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TENANT CWCUfT 1 (TEN!) 


(TEN2) 



shieided, teflon 
rre alarm cable 

LABEL *ALO-ATC WITH 
BRADY LABEL 
#WML-305-292 



DRAIN 


SHIELDED. TEFLC 
FIRE ALARM CABLE 
TYPICAL SHIELp/DRAJN 
INSULATING MZTHOD 


STANDARD 4" SQUARE 

x 2 i/ar BACKBOX 

RACO 232 (CAE.) 


1/4* NUT AND BOLT 
(TYPICAL FOR 4) 


ALD-ATCf WTH BRADY LABEL 
305-292 


EXISTING CEIUNG TILE 
OR GYPSUM BOARD 
CEIUNG 


t 1/2T BLACK IRON 
BAR 24* LONG 
(TYPICAL FOR 2) 


2 BAR CUP OR 
CADDY #66 CUP 
(TYPICAL FOR 4) 

EXISTING Z BAR 
CHICAGO BAR, 

OR CEIUNG SUPPORT 


ALD-ATC (ALD LOOP CIRCUIT FROM TSC-M) 
1/2" GSC STUB INTO HUNG CEIUNG 


TB2 


i7? ffi mmm ^ 



INSTALL 3A IN EXISTING 
1 1/2" GSC 

(CKTS SD-ELEV, SO— AREA St SD-HVAC) 


ELEV) 



NOTES: 


Sheet 


18 


Of 


21 


1 1/2" EXTENSION 
RING RACO 202 (OAE.) 


RECESSED CEIUNG MOUNTED 
ROUND SPEAKER 
"WHEELOCtf* MODEL #E-90-W 


1. FOR LEGEND, ABBREVIATIONS 

& GENERAL NOTES, SEE DWG E-1 

2. FOR WIRING & RISER DIAGRAM, 
SEE DWG E-2 THRU E-1 3. 

3. RETURN AIR SMOKE DETECTORS MOUNTED 8" 
IN FRONT OF THE RETURN AIR GRILL 

4. DETECTOR BASE WIRE PENETRATION TO BE 
SEALED TO PREVENT "DRAFTING" WHERE 
CONDUIT USED. 


SHIELD MUST BE CONTINUOUS AND 
INSULATED FROM BOXES, CONDUITS, ETC. 


6. CONTRACTOR SHALL INSTALL THE FIRE ALARM 
DEVICE AT 8CT ABOVE FINISHED FLOOR OR 
6T BaOW SUSPENDED COUNG, WHICHEVER 
IS LOWER. 



10.75* X 10.8ST PANEL 


-OPcft AREA SMOKE DETECTOR CIRCUIT (SO-AREA) 


irxir*r enclosure 


HVAC SMOKE DETECTOR CIRCUIT (SD-HVAC) 


PROVIDE CABLE TAG 

BRADY LABEL #WML- 305-292 




TYPICAL RECESSED SPEAKER 







CHIEF 


N.T.S. 


S~lft GSC 

r WSULATED BUSING 

AT END OF CONDUIT 


SEE NOTE 6 


ATC CABINET 

"A" 



SEE DWG E-1 
GENERAL NOTE 11 


N.T.S. 


r EXISTING SLAB OR BUILDING. STEEL 


EXPANSION BOLT 


r EXISTING SLAB 


EXPANSION BOLT 

1" x 1/8* THICK STEEL 
SUPPORT STRAP 

STEEL COMPRESSION 
CONNECTOR 
(SEE NOTE 4.) 

UNIVERSAL MOUNTING BASE 
CERBERUS PYROTRONICS 
MODEL #D8-3S, 
PROVIDED AND INSTALLED 
BY THE CONTRACTOR 



4* OCTAGONAL 2 1/ST 
DEEP STEEL BOX 
RACO CAT #175 (OAE) 


yr t*/2 SHIELDED TEFLON CABLE 
/ CLAMPED TO CEIUNG 
v STRUCTURE (TYPICAL). 


SUSPENDED/GYPSUM BOARD COUNG 


AREA SMOKE 
DETECTOR CERBERUS 
PYROTRONICS MODEL flU-t, 
PROVIDED AND INSTALLED 
BY THE CONTRACTOR 


KE DETECTOR INSTA1 1 AT10N 



EETRi 


r x 1/8* THICK STEEL 
SUPPORT STRAP 

4" OCTAGONAL 2 1/8T-X 
DEEP STEEL BOX 
RACO CAT #175 (OAE) 

STEEL COMPRESSION 
CONNECTOR 
(SEE NOTE 4.) 

14/2 SHIELDED TEFLON CABLE 

UNIVERSAL MOUNTING BASE 
CERBERUS PYROTRONICS 
MODEL #DB-3S, 
PROVIDED AND INSTALLED 
BY THE CONTRACTOR 

OPEN AREA SMOKE DETECTOR 
CERBERUS PYROTRONICS 
MODEL #IU-1A, PROVIDED AND 
INSTALLED BY THE CONTRACTOR. 
SEE NOTE 3 

MOKE DETECTOR INSTALLATION 




" MSUU1ED BUSHNC 

AT END OF CONDUCT 


SUSPENDED CEIUNG 


SEE NOTE « 


S66 BACKBOX 


SEE NOTE 6 


SEE NOTE 6 


WALL 


FWSHEO FLOOR 



SUSPENDED COUNG 
3/4* FUMBLE 

metaluc conoutt 

device box 

sou) gypsum 
board wall or 

MASONRY WALL 


ERERY CERTIFY THAT THIS ISA TRUE AND CCRREC1 
( OPY OF ONE OF THE CONTRACT DRAWINGS CON- 
$ rrrUTWG A PART OF CONTRACT NO. 
* THE FORM M WHICH SAID DRAWINGS EXISTED AT 
T HE TIME THE SAID CONTRACT WAS EXECUTED BY I 
1 € PARTES. " 

TE 


HUSHED FLOOR 


TYPICAL WALL 


STROBE/SPEAKER INST 

NXS. 



EAKER. 


TYPICAL FLUSH M OUNTED STRORF. SPFAKFR 
STROBE/SPEAKER INSTAI I AH 



SUSPENDED 
CEILING 


RETURN 


FROM PRECEDING 
STROBE OR TSC 



N.T.S. 



N.T.S. 



END OF LIKE (LO.L) RESISTOR 



No. Dote Revision 


ApD r oved 


SLACK 


FROM PRECEDING 
STROBE OR TSC 


BEND SWELD BACK 
AND TAPE TO CONDUCTOR 


DRILL 3/16T HOUES 1* DEEP FOR 
VttO CONCRETE INSERTS OR 
EXPANSION SHIELDS 

r EXISTING SLAB 
— | |— 30T FWST CLAMP 


2 #10 SHEET METAL 
SCREWS WITH WASHERS 
(SEE NOTE 4.) 



TYPICAL STROBE E.O.L WIRING DIAGRAM 

DETAIL "GT 



BLACK 


r 


5 


PRO.VSULATED CRIMP CONNECTOR 
§mi MOOa fCE-t (OAE.) 


10 NEXT STROBE 


SHOD 


NTS. 


FROM PRECGXNC 
SPEAKER OR TSC 


wnxm 


OPEN AREA SWCKE-^ 
DETECTOR CERBERUS 
PYROTRONICS MODEL 
PROVIDED AND INSTALLED 
BY THE CONTRACTOR 


€ OCTAGONAL 2 f/T 

DEEP STEEL BOX 
RACO CAT #175 (OAE) 


ALD LOOP WIRES 
FROM PRECEDING 
DSMCE 



* TO 
NEXT 
DEVICE 


BASE - PYROTRONICS 
MODEL NO. DB-3S 


PRBNSUUTED CRIMP CONNECTOR 
#S€AL MOOa ICE-1 (OAE) 


FROM PRECEDING 
STROBE OR TSC 



* "I TO NEXT SPEAKER 

* J OR EO.L RESISTOR 


ICAL STROBE WIRING DIAGRAM 

DETAIL »H» 

N.T.S. 


iki^ike^rin^ depJrtnUni I 

Djesi&n Divisions 





W6rld 
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Title 


«3 

> 


IRE ALARM SYSTEM 
DEVICE UPGRADE 
PHASE III 


ELECTRICAL 


1 wrc 

SPEAKER, STROBE & SMC 
DETECTOR MOUNTING DET/ 
AND WIRING DIAGRAMS 


< 


St- 


II — — \ n it 

— — 


CO^WUS PYROTRONICS 



INSTALLED 


SEE NOTE 5 


7 


—p. TO 
NEXT 

f — DEVICE 

PRDNSULATED CRIMP CONNECTORS 
# IDEAL MOOa |CE-1 OAE 


+ 

RED 



BLACK 



-tSj 


TO NEXT STROBE 
OR EO.L PFSSTOR 


S.? Mil ■ If. )■ 


SPEAKER 


STROBE 


SPEAKER 



SPOm^ 0 ^ ( L0 « L ) RESISTOR 

24kA 


BUCK 


r 


TO NEXT SPEAKER 


3 


E DETECTOR INSTALLA' 




FROM PRECEDING 

SPEAKER OR TSC 



BLACK 


This drawing subject to conaf ons m contract 
All irtvtntfOfts. ideos. designs o^d methods 
r»«rein <»r# reserved to Port Authority ond 
may not be used w;tt>dut its wn'ien consent. 
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mm precede 

SPEAKER OR TSC 


TYPICAL SPEAKER WIRING DIAGRAM TYPICAL 


N.T.S. 




DIAGRAM 


Deslg'-NKS t?y Drown b y 


Dote 2/4/97 

Contract Ntrmfefc' 

WTC-861 .077 


Checked by 
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